t 

I 


SEE 48th FLOOR SOUTH 

part plan, ims (waving, 
and rbcr owc. e-9 for 

ooktwuation. 


5-4T CONDUT, 
4 i 500 KC ML ft 

ily o crou no 


-DOWN TO CIRCUIT 
BREAKER #51-2. SEE 
SCHEDULE ON THIS 
DRAWMC FOR FEEDER 
SIZE. 

DOWN TO CtfCUIT 
BREAKER |51-1. SEE 
SCHEDULE ON THIS ' 
DRAWING FOR FEEDER 
SIZE. 



STEEL TRUSS 


DISCONNECT, CUT 
ft REMOVE E/lST 
TENANT FEEOER 


20OOA COPPER 
BUSWAY. SEE 
GEN. NOTE 17, 
OWC E-1. 

REPLACE CONDUCTS 
AND CONDUCTORS 
TO MATCH EXIST 
BRANCH CIRCUIT 

-REROUTE TENANT 
FEEDER 

-SPUCE BOX 
(TYPICAL) 

CUT EXISTING 
CONDUIT ft 
CONDUCTORS 
AND REMOVE 


51st FLOOR SOUTH PLAN 


REMOVE 2 EXIST PLUG-IN 
DISC. SWITCHES ft RE— INSTALL 
AFTER COMPLETION OF ELEC. 
CLOSET WORK. 

EXISTING 1600A 
BUSWAY TO 
REMAIN 

SPECIAL OFFSET 
CABLE TAP 
BOX IN HUNG 
CEILING AREA 



HOLLOW BUSWAY 
ENCLOSURE TO ATTACH TO 
EXISTING BUSWAY FOR 
STRUCTURAL SUPPORT. 
CAP EXISTING BUSWAY. 


UTILIZE EXISTING BUSWAY 
FLOOR SUPPORTS 


33rt FLOOR 


CONDENSER WATER 
PIPING TO REMAIN 

EXIST CONDUCT 
TO REMAIN 

CEILING 
CONSTRUCTION 

SHEETROCK 

TO EXISTING LIGHTING PANELr 


DISCONNECT ft REMOVE EXISTING 
PLUG-IN FUSE SWITCHES AND 
REPLACE WITH PLUG IN CIRCUIT 
BREAKERS. (SEE BUSWAY SWITCH 
REPLACEMENT SCHEDULE. THIS DWG). 
TURN OVER PLUG IN FUSED SWITCHES 
TO THE PORT AUTHORITY. 

TO TENANT SPACE. 
TO EXIST PANEL. 

2O0OA COPPER BUSWAY. SEE 
GEN. NOTE 07. DWG E-1. 

32nd FLOOR 


DISCONNECT ft REMOVE EXISTING 

BREAKERS. (SEE BUSWAY SWITCH 
REPLACEMENT SCHEDULE. TH6 
DWG). TURN OVER PLUG IN FUSiD 
SWITCHES TO THE PORT AUTHORITY.; 


2000A COPPER 
BUSWAY. SEE 
GEN. NOTE #7. 
DWG E-1. 


SPECIAL OFFSET 
CABLE TAP 
BOX IN HUNG 
CEILING AREA 
TYPE 'D* 


CEILING 
CONSTRUCTION 

SHEETROCK -■ 


REROUTED • 

TENANT FEEDER 
TO EXISTING LIGHTING PANEL 


TO TENANT SPACE PANEL 


EXISTING — - ■ 

DOOR 

SEE GENERAL NOTE#9. 
DWG E-1 



EXISTING BUSWAY 
TO REMAIN 


TRANSITION BOX. 


TO EXISTING LIGHTING PANEL. 


SEE GENERAL NOTE#». 
OWC E-1. 


52no FLOOR 


REMOVE EXISTING 10COA ALUMINUM 
BUSWAY. SEE GENERAL NOTE #13 
ft #14 DWG E-1. 

2O0QA COPPER BUSWAY. SEE 
GEN. NOTE #7. DWG E-1. 


DISCONNECT ft REMOVE EXISTING 
PLUG IN FUSED SWITCHES AND 
REPLACE WITH PLUG IN CIRCUIT 
BREAKERS. (SEE BUSWAY SWITCH 
REPLACEMENT SCHEDULE. THIS 
DWG). TURN OVER PLUG IN FUSED 
SWITCHES TO THE PORT AUTHORITY. 

FLOOR 



BUSWAY son? 

;H REPLACEMEl 

T SCHEDULE 

# 

EXIST, sw. 

P?S 

EXIST. FUSE 

NEW BREAKER 

HEW 

NEW 

REMARKS 

52-1 

2O0A 

12SA 

2?5AF/12SAT 

4#1 CU 

1 >ar 


52-2 

20GA 

12SA 

223AF/123AT 

4#1 CU 

i w 


51-1 

20QA 

125A 

225AF/125AT 

4#1 CU 

t w 


32-1 

200A 

125A 

22SAF/12SAT 

4#1 CU 

1 w 


32-2 

2O0A 

125A 

22SAF/125AT 

4#1 CU 

1 Var 


32-3 

20OA 

125A 

22SAF/100AT 

4#1 CU 

i Var 










SEE RISER DWG.— 
E-9 ft DWG E-7 
FOR CONTINUATION. 


3H4FT 


CAP 

BU SWAYS 

REMOVE 2 EXISTING PLUG- IN 
DISC. SWITCHES ft RE-INSTALL 
AFTER COMPLETION OF ELEC. 
CLOSET WORK. 

EXIST 160OA BUSWAY 
TO REMAIN 



SEE 51ST FLOOR SOUTH 
PART PLAN TMS DWG. ft 
RISER DWG E-9 FOR 
CONTINUATION. 


5-4* CONDUIT, 
4|SO0KCMB. ft 
1#4/0 GROUND 
WIRE. — — — — 


PULLBOX, SIZE AS REQ. 
FOR 9ff TURN. 


CONFERENCE 


CONFERENCE 
fififiM 


50th FLOOR 


51st PLOOR SECTION A-A 
& PART RISER 


48th FLOOR SOUTH PLAN 


t 

® 
I 


t 

® 


SEE RISER DWG, 
E-9 ft DWG E-7 
FOR CONTINUATION. 


SPUCE BOX 
(TYP) 


EXISTING DOOR 


TRANSITION BOX 


1600A, 4B0/277V, 
ALUMINUM. PAIRED PHASE 
BUSWAY TO MATCH EXISTING 
FEDERAL PACIFIC BUSWAY. 


SEE GENERAL N0TE#9. DWG E-1. 


REMOVE 2 EXIST PLUG-IN SWITCHES 
FROM EXISTING BUSWAY ft REINSTALL 
AFTER INSTALLATION OF REPLACEMENT 
BUSWAY. REPLACE EXISTING PANEL 
FEEDERS AS REQUIRED. 

1 REMOVE EXISTING 1600A ALUMINUM BUSWAY. 

1 SEE GENERAL NOTE #13 ft 14 DWG E-1. 

EXIST 16O0A BUSWAY 
TO REMAIN 

ant FLOOR 



5-4" CONDUIT, 
4#500KCMIC ft 
1#4/0 CNO 
WIRE. 

CABLE TAP 
BOX 


1#4/0 TO BUILDING 
GROUND RISER 

STEEL TRUSS 


EXISTING LIGHT 
FIXTURE TO 
REMAIN 


DOWN TO CKT. BKR. 
#32-2. SEE SCHEDULE 
ON THIS DRAWING FCP 
FEEDER SIZE 


EXISTING, 120/208V 
BUSWAY FO REMAIN 


rt EXIST. PANELBOARD 
TO REMAIN 

DOWN TO PLUG IN CIRCUIT 
BREAKER #32-1. SEE 
SCHEDULE ON THIS DRAWING 
FOR FEEDER SIZE 

EXIST CONDUIT 
TO REMAIN 

2000A COPPER BUSWAY. SEE 
GEN. NOTE #7, DWG E-1. 

CONDENSER WATER 
PIPING TO REMAIN 

EXISTING 1" CONDUIT 
FEEDER TO REMAIN 


SHAFT ft 

ELEC. CL. 
AREAS —j 

T77771 


f 


V 


ONE WORLD 
JBfifiE (g) 


TW O WORLD 
IBME 


32nd FLOOR SECTION A-A 
& PART RISER 


32nd FLOOR SOUTH PLAN 


f 


25 « 41 
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ONE WTC 
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nam 
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This dnmnQ tubjtct to conditions in contract. 
Al invention*, ideas, assigns and methods 
herein or* reserved to Port Authority and 
mat not bo «M»ut if» written oommL 
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